t 


SEE 4ttfc FLOOR SOUTH 
PART PLAN. TMS DRAWING. 
/tf> R6ER OWC, E-0 FOR 
CONTINUATION. 


5-4" CONOOfT. 
4|500KCtflL * 

ijy o cwou wo 


DOWN TO CIRCUIT 
BREAKER #51-2. SEE 
SCHEDULE ON THIS 
OftMRNG FOR FEEDER 
SIZE. 

DOWN TO CIRCUIT 
BREAKER 151-1. SEE 
SCHEDULE ON IKS ' 
DRAWING FOR FEEDER 
SIZE. 



114/0 TO BUILDING 
GROUND RISER 


STEEL TRUSS 


DISCONNECT, CUT 
& REMOVE EXIST 
TENANT FEEDER 


2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7, 
DWG £-1. 

REPLACE CONDUITS 
AND CONDUCTORS 
TO MATCH EXIST 
BRANCH CIRCUIT 

REROUTE TENANT 
FEEDER 

SPLICE BOX 
(TYPICAL) 

CUT EXISTING 
CONDUIT 4 
CONDUCTORS 
AND REMOVE 


51st FLOOR SOUTH PLAN 


REMOVE 2 EXIST PLUG-IN 
DISC. SWITCHES ft RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


EXISTING 1600A 
8USWAY TO 
REMAIN 


SPECIAL OFFSET 
CABLE TAP 
SOX IN HUNG 
CEILING AREA 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH 
EXISTING BUSWAY FOR 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 


TO 


UTILIZE EXISTING BUSWAY 
FLOOR SUPPORTS 

33rd FLOOR 


CONDENSER WATER 
PIPING TO REMAIN 

EXIST CONDUIT 
TO REMAIN 

CEILING 
CONSTRUCTION 

SHEETROCK 

TO EXISTING LIGHTING PANEL7 


DISCONNECT & REMOVE EXISTING 
PLUG-IN FUSE SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS DWG). 
TURN OVER PLUG IN FUSED SWITCHES 
TO THE PORT AUTHORITY. 

TO TENANT SPACE. 
TO EXIST PANEL 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 

32nd FLOOR 


EXISTING DOOR 

TRANSITION BOX 

1COOA, 480/277V, 
ALUMINUM, PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


SEE GENERAL NOTEfd. DWG E-1. 


REMOVE 2 EXIST PLUG-IN SWITCHES 
FROM EXISTING BUSWAY & REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

f REMOVE EXISTING 16O0A ALUMINUM BUSWAY. 

1 SEE GENERAL NOTE #13 & 14 DWG E-1. 

EXIST 1600A BUSWAY 
TO REMAIN 

m aftffi 


DISCONNECT * REMOVE EXISTING 

BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY.: 


2000A COPPER 
BUSWAY. SEE 
GEN. NOTE §7, 
DWG E-1. 



SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 
TYPE *0* 


CEILING 
CONSTRUCTION 

SHEETROCK - 

REROUTED 

TENANT FEEDER 

TO EXISTING LIGHTING PANEL 


TO TENANT SPACE PANEL 


EXISTING — 
DOOR 

SEE GENERAL NOTE#9 
DWG E-1 


EXISTING BUSWAY 
TO REMAIN 


TRANSITION BOX. 


tO EXISTING LIGHTING PANEL 


SEE GENERAL N0TE#9. 
DWG E-1. 
52nd aOOR 


REMOVE EXISTING 160QA ALUMNUM 
BUSWAY. SEE GENERAL NOTE #13 
* #14 DWG E-1. 

2O0OA COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 


I 

EXIST. SW. 



REMARKS 

52-1 

200A 

125A 

225AF/125AT 

4|1 CU 

i Var 


52-2 

200A 

125A 

22SAF/123AT 

4|1 CU 

iVr 


51-1 

200A 

12SA 

225AF/125AT 

4|1 CU 

i Var 


32-1 

200A 

12SA 

225AF/125AT 

4#1 CU 

i w 


32-2 

200A 

125A 

22SAF/125AT 

4#1 CU 

i w 


32-3 

200A 

12SA 

225AF/100AT 

4#1 CU 

i Var 










DISCONNECT & REMOVE EXtSTINC 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


CAP 

BUSWAYS 

REMOVE 2 EXISTING PLUG-IN 
DISC. SWITCHES ft RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


SEE RISER DWG,— 
E-9 ft DWG E-7 
FOR CONTINUATION. 


SEE 51ST FLOOR SOUTH 
PART PLAN THS DWG. ft 
RSER DWG E-9 FOR 
CONTINUATION. 


EXIST 1600A BUSWAY 
TO REMAIN 



PULL8CX, SIZE AS REQ. 
FOR 90* TURN. 


51st FLOOR SECTION A-A 
& PART RISER 


48th FLOOR SOUTH PLAN 


t 

® 


t 


SEE RISER DWG. 
£-9 & DWG E-7 
FOR CONTINUATION. 


SPUCE BOX 
(TYP) 



5-4" CONDUIT, 
4#500KCfcNC ft 
1#4/0 GNO 
WIRE. 

CABLE TAP 
BOX 


1#4/0 TO BUILDING 
GROUND RISER 

STEEL TRUSS 


EXISTING LIGHT 
FIXTURE TO 
■REMAIN 


DOWN TO CKT. BKR. 
#32-2. SEE SCHEDULE 
ON THS DRAWING FOR 
FEEDER SIZE 


EXISTING, 120/208V 
BUSWAY TO REMAIN 


EXIST. PANELBOARD 
TO REMAIN 

DOWN TO PLUG IN CIRCUIT 
BREAKER #32-1. SEE 
SCHEDULE ON THS DRAWING 
FOR FEEDER SIZE 
EXIST CONDUIT 
TO REMAIN 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7, DWG E-1. 

CONDENSER WATER 
PIPING TO REMAIN 

EXISTING 1" CONDUIT 
FEEDER TO REMAIN 


r 


SHAFT ft 
ELEC. CL. 
AREAS —j 


ONE WORLD 

TRADE 


t 


TWO WORLD 
TRADE 


32nd FLOOR SECTION A-A 
& PART RISER 


32nd FLOOR SOUTH PLAN 


f 


<KXX H&i KEY PliW 


25 « 41 


EDWARDS amd ZUCK, P.C. 

CONSULTING ENGINEERS 

JJO VM «M^kN^tai^M. WT MOM 
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LOW VOLTAGE D^mBUTON 

ONE WTC 

ELECTMCAL 

32MD, 4 ffjt 1 9NT 
FL.OCH 

SOUTH SDE 
ELECTRIC CLOSET PART PLAN 


Thi* drowino, subject to condition* in contract. 
All invention*. idjo*. design* and method* 
hcrain of* m* *r v*d to Port Autho rity and 
moy not to u**d *ftbout it's writtsn consent- 
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